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100. All Tobin bronze used must be homo-Tobl0 Bronze-geneous and uniform in character, and specimens broken in a testing machine shall show a tensile strength of not less than 60,000 pounds per square inch, and an elongation of 20 per cent, in eight diameters.
IQ:. Finished bolts and nuts of Tobin or Phosphor bronze may be tested.in the same manner as specified for wrought iron, and if any two bolts shall not fulfill the requirements, the whole lot of that size and make will be rejected,
102.     Test specimens and samples of castings, Test 3An> forgings, composition or any other material used in
this construction, shall be prepared ready for testing and supplied in the number, shape, finish and sizes required by the water commissioner, and shall be prepared as may be directed at any time during the pouring OK working of the materials.
For all material taken by the water commissioner for testing, the following prices will be paid, which shall include the cost of preparing and finishing the test specimens, viz.:
For all wrought iron or steel, the sum of ten cents per pound.
For all composition, the sum of thirty cents per pound.
For all cast iron, the sum of three cents per pound.
All broken material to belong to the city of St. Louis.
103.     The  Babbitt metal used throughout the Babbitt Memi construction must be of the following approximate proportions  by  ana-lysis:    88  per  cent,   pure   tin,
eight per cent, antimony, and four per cent. Lake Superior copper.
104.     All rubber for valves and gaskets  must Rubber, l>c   of   a   suitable   quality,  approved by the Water Commissioner before it i.s u*ed.
105.     All other material   used   in   the   engines other mater-and not  mentioned  in the.se  specifications  will   be     lal*" subject to inspection, test and approval by the Water Commissioner before it i.s used.
CONSTRUCTION.
106.     The    workmanship   and   finish   of   the Workm pumping engines throughout shall be  equal  to the
best American practice, and in every respect satis-\tctory to the Water Commissioner.